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1. INTRODUCTION 

The reason of the increase in non-linear load is the progression of electronics technology and power 
electronics systems that cover all areas of our life. Those non-linear loads are the main source of harmonics 
and missing the source wave sinusoidal. Filter supplementation to the distribution system is the most 
common way to overcome and eliminate harmonics and return the source wave to its original form. Filters in 
power systems date back to 1960s when William Stanley installed a group number of shunt capacitors on 
industrial power systems to improve power factor. However, after a period of time the use of series reactors 
equipped with many of those shunt capacitors was introduced, making them into tuned filter banks [1]-[4]. 

Latterly power electronics tool has speedily prospered globally began with tiny nonlinear loads in our 
home devices to major manufacturing usages. This has resulted in several power quality problems in the power 
system, including voltage harmonics and current harmonics, which necessitate being resolved. Initially passive 
power filters were used to reduce the resulting harmonics at loads, because of simplicity and low cost the 
passive power filters are used widely in low and medium voltage distribution systems. Although their 
requirements are much different compare to high voltage power systems. But due to the limitations and 
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disadvantages of their use, active power filters were suggested around 1970, and presented to enhance the 
performance [5], [6]. The possibility of putting active power filters into practical implementations has increased 
due to advance of power electronics technology. Implementations not just for harmonic reduction, but also 
include flicker reduction, balancing system and voltage regulation improvement. The shunt active filters have 
provided much more satisfactory filtration characteristics than classical shunt passive filters or static var 
compensators. However, active power filters have a very high cost for high rating of power so a hybrid power 
filters are presented [7]-[10]. Vision-based technology such as using deep learning for useful insights into issues 
[11], the artificial intelligence and augmented reality developed during the COVID-19 outbreak [12]. 

According to the researches, a filter or compensator is the best solution to remove the liability of the 
utilities in light of the existence of specific and wide-ranging impacts on the client or the existence of 
legislation that requires limited levels of harmonics. Flexible AC transmission (FACTs) are another, and 
possibly the best way to increase stability, reliability, efficiency and enhance the power quality of the system. 
Most electrical energy companies aid customers with innovative FACTs to help them receive energy without 
power disturbance issues [13], [14]. This paper proposes one of the FACTs techniques which is a unified 
power flow quality conditioner (UPQC) filter that connects to the distribution systems based on particle 
swarm optimization-artificial neural network (PSO-ANN) in order to get high improvement of power quality. 


2. RIGHT-SHUNT UNIFIED POWER QUALITY CONDITIONER 

Explaining the UPQC is the major filter type to relieve sag voltage issue of nonlinear loads in 
distribution system, which is a power static elements setup custom power device (CPD). This type of filter 
can be employed in the power distribution system in two ways right-shunt and left-shunt UPQC at the point 
of common coupling (PCC) to perform shunt and series compensation. This type of device consists of two 
voltage source inverters VSIs that feed by common direct current (DC) source. A structure of the voltage 
source inverter (VSI) built with six H-bridge inverter and six single phase transformers in order to able to 
inject unbalanced voltages and currents. The power topology diagram and equivalent circuit of UPQC is 
shown in Figure 1. It shows the right-shunt UPQC compensation configureure uration, the base parts are 
series transformer, passive filter, voltage source inverter, capacitor, and DC source. This system completely 
obliterates using the conventional passive filter adjustment procedure, which requires capacitance or 
inductance correlation for each frequency [15], [16]. The series part of the filter is connected with the power 
system through injection transformer and filter set, which injects a voltage in series with the power system 
voltage. The series part of UPQC is the same as dynamic voltage restorer (DVR) filter performed injecting or 
absorbing reactive power or real power to compensation for voltage sags. 


Figure 1. Power topology diagram of UPQC 


At the essential part of the UPQC filter is the inverter which is a static power electronics device 
three-phase voltage source that inverts DC to AC also converts AC to DC. So, we need DC power and a fast 
switching DC source to perform power compensation. The continuous comparison of source voltage 
waveform with reference voltage is the main function of the series part filter. When any disturbance occurs in 
the system, three single-phase AC output voltages from series part filter injects into the system with 
compensation of amplitude, phase and all integer and interharmonic content. This led to secure the process of 
unnecessary voltage disruption to the load and sending the desired voltage waveform to the consumers. DC 
voltage feeds into the input of inverter by DC source in the UPQC filter, the output inverter voltage 
controlled by three single phase bridge, these resulting bridge voltages are independently filtered and 
controlled to permit each phase to be separately compensated before feeding to the secondary side of series 
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transformer. The primary side of the series transformer must carry the maximum inverter output voltage 
transform from secondary side of series transformer and also must carry the full line amount current [17]-[19]. 

Most voltage dips are asymmetric, or unbalanced, in such case the series filter part in UPQC can 
draw energy from the distribution system side and transfer it to the filter side. In the event of a more severe 
dip the series filter must exchange active power with the line and draws energy from DC storage system; 
normally a capacitor. Energy is exchanged between the DC link and storage capacitors by a DC-to-DC 
voltage conversion circuit. During the sag voltage events, the series filter is recharged by the energy storage 
source from the distribution system. The active series part filter is inwardly produced reactive power without 
any passive reactive elements which alternated between the UPQC and the AC system [20]. Control voltage 
of the series part of UPQC is (1), 


Ve m V, = V; (1) 
if the terminal voltage V, is unbalanced, V; must eliminates this unbalance, so from this condition we get, 
Veo = Vig and Ve 2 = —V; 2 (2) 


suppose V; ı = |V, Pa the inject positive sequence voltage to the system is (3), 


Weal — 2 alWeal+ Mal’ - Weal? =0 3) 
for shunt current injection part of UPQC we have (4), 
Isp = Is — I, (4) 


in a same way Ip must eliminates the unbalance of J,, so the zero and negative sequences of the load current 
are removed by injecting the current shunt filter portion as shown in the (5). 


Isno = Io Isha = 0 and Is, 2 = l2 (5) 


From (1) to (5) the right-shunt UPQC eliminates unbalances in the source voltages and unbalances 
in the load currents. In complete series and shunt compensation only positive sequence of source current will 
flow through the system. Since only positive sequence current passed through series compensator, and the 
negative and zero consumed power in it will be zero. Therefore, the active power injected by series filter will 
be zero. The active control power be (6). 


Peont = Proaa — Psystem (6) 


The increase of voltage drop lead to increase the active power, so control power is rising, but at 
phase-angle bound the relationship is losing the linearity. However, it relies on the power factor. In case of 
interruption a series voltage controller is not present. It needs a closed path for the load current, which is not 
always present during an interruption. The shunt filter only injects reactive power because there is no positive 
sequence of current injection, i.e. injecting active power is zero. The formulas for active power and reactive 
power in the shunt filter can be written as (7) and (8). 


lV. 1| Hr 1| cos(@) = 0 (7) 


val Meal sin(®) = 6 * q, (8) 


UPQC filter overcome and improve the physical constraint of the harmony passive filter, through 
composition of hybrid system and a control technique circuit. As mentioned before UPQC consist of two part 
filters shunt and series, each part of filter is consisted of the power circuit and the control circuit. The power 
circuit composes of a VSI-based pulse width modulation (PWM) and DC source or capacitor to maintain and 
adjust DC voltage. It is responsible for tuning the desired compensation current. The control circuit controls 
the power circuit by tracking the harmonic current variation and this is done by determining the instantaneous 
reference compensation current and precisely tuning the required harmonic current for the control circuit. In 
the following subsection we will discuss the process of minimization total harmonic distortion in the power 
distribution system which depends heavily on harmonic extraction and current control techniques [21]. The 
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terminal voltage, load current and the reference shunt filter current that eliminate the harmonic part in load 
current is expressed, 


V, — vous + yrum 


L, = poe + piem (9) 
lepog i gen +4 Lee 


where I ne is determined by using (5) and (8). In same way the reference of series filter voltage is, 


Ve ref = you _ yo (10) 


3. PROPOSED PSO-ANN BASED DESIGN 

The major role of UPQC is to inject the appropriate compensating current at PCC with the aim of 
making the source current and voltage to sinusoidal with a minimum total harmonic distortion (THD). The 
parameters of the control design circuit are responsible of the value and wave shap of the compensation 
current and the THD of the resulting both voltage and current source [22]. Any omission of the design circuit 
leads to failure in compensation. In this paper, the development of parameters prediction of proportional 
integral (PI) controller circuit in UPQC control circuit using PSO, for minimizing time to get optimal 
parameters using ANN technique. The innovative phase of this paper is the expansion of PSO-ANN 
incorporated optimization system for optimizing procedure parameters for smart control of PI controller 
procedure applicable to industrialization. The system achieves optimum parameters for economical 
component production resulting in improved the power quality. The paper designs the UPQC model that 
includes the perfect value of components Lsn, Ly, Cy, Tr, Va ref Kp, and K;. This work is done by applying 
PSO with ANN to the model, these values can be represented as a problem variables and it need to formulate 
an objective function [23]. 

PSO is a technique based on random optimization it progressed through recent research, complex 
problem includes multi-variable, nonlinear and many constraints, therefore, this method is very suitable for 
optimizing those problems. The process of optimization is started with number of random solutions then the 
system updates with new velocity and position for each of iteration until optimum values are reached. The 
updated particle can be found according to the following formula, 


k+1 _— k k k 
Vm,n = W * Vm, n + Cy * T * (Poestmn —Xmn ) + C2 * 12 * (Ghestmn = Xm,n ) ad 1) 


k+1 
k+1 — k 
Xmn =Xmn + Vm,n (12) 


where Vm n= particle velocity m when iterating n; Xm,n = particle current position m when iterating n; Ppest= 
particle personal best m in the group when iterating n; Gpest= particle best position m in the group when 
iterating n; rı and r= random number 0 and 1; and c, and c2= learning factors are taken as 1.5. PSO has an 
information sharing mechanism that is preferred over other optimization techniques. The objective function 
of pi controller of the UPQC device can be written as (13). The best possible solution only is to find 
evolution, so all particles quickly tend to converge towards the optimum state [24]-[28]. Table 1 shows the 
parameters chosen for the simulation to obtain optimum value of K, and K; of PI controller. 


t 
We = KpVoq + Ki Jy Voqdt (13) 


Table 1. Parameters of PSO algorithm 


Parameters Values 
Population size 50 
No of iterations 100 
Wmin 0.9 
Wmax 0.1 
C1l=C2 1.5 
Min offset 200 


ANN is detected as one of the intelligent implement for finding the relationship between inputs and 
outputs for a complex manufacturing process. It is an information processing structure that including a huge 
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number of uncomplicated and highly complicated processing components similar to a biological neural 
system. The Levenberg-Marquardt algorithm is used to train the neural network. Learning rate, number of 
training, number of hidden layers, number of neurons in the hidden layers and processing function used are 
some of the factors that the ANN model relies on most for predictive accuracy and efficacy. An input layer 
with three neurons, a hidden layer and an output layer with one neuron used in the network. The neuron 
output can be found by summation of input neuron weight in prior layer with its own bias [29]. Each neuron 
output in the hidden or output layer is determined by the (14). 


n; = Eoi nj + 01) (14) 


The Simulink was designed using the neural network tool box available in matrix laboratory 
(MATLAB) version R2018a. The Simulink build with nonlinear input-output in dynamic time series 
application. Inputs are an 8,001x3 matrix, representing dynamic data: 8,001 time-steps of 3 elements, targets are 
an 8,001x1 matrix, representing dynamic data: 8001 time-steps of 1 element. For validating and testing data 
70% of target time-steps selected for training, 15% selected for validation and 15% for testing. The number of 
hidden layer neurons was changed from 1 to 10 and the network epoch 6 times in each case. In the end the 
optimum output of network is acquired with network architecture is 3-10-1-1. The progress of ANN based 
prognosticate model for prognosticating the components of the PI controller in a UPQC filter shown in Figure 2. 


Neural Network 


Hidden Output 
f ra 
x(t) > y9 
3 J 1 
10 1 


Algorithms 
Data Division: Random (dividerand) 
Training: Levenberg-Marquardt (trainim) 


Performance: Mean Squared Error (mse) 
Calculations: MEX 
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Epoch: o| | 224 iterations 1000 
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Gradient: 57.3 | 277 1.00e-07 


Mu: 0.00100 | 1.00e-05 | 1.00e+10 


Validation Checks: o E 6 


Figure 2. Proposal neural network training 


In this paper, the control circuits of getting a desired signal gate of UPQC inverters build upon a 
versatile control technology which based on the synchronous reference frame (SRF) theory, to mitigate 
voltage sag problem and to eliminate harmonics for sensitive loads in distribution system. One of the 
applications of the Park’s transformation is applied to control of UPQC which convert the voltage or current 
from abc signal to dqo reference frame quantities. The quantities can be signifying as the instantaneous space 
vectors. The performance of UPQC filter depend mainly on its control technique circuit, PSO-ANN takes 
place of PI controller and phase locked loop (PLL) to control voltages and currents and generate the satisfy 
pulse signal to insulated-gate bipolar transistor (IGBT) in the control circuit. Figure 3 shows the steps of the 
entire work flow chart algorithm. The control technique has ability to straight balance in addition with 
imbalanced sag. An efficient way to organize DC link capacitor voltage of shunt and series filter is deduced. 
Performance of series and shunt filters with this control circuit is implemented using MATLAB/Simulink 
technique. Simulation results show the validation of the control technique circuits for UPQC to normalize 
voltage dip to reduce total harmonic distortion. 
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Figure 3. Flow chart of PSO based ANN optimization methodology 


4. CASE STUDY 

To analysis and study the power quality by the proposal filter system, a bundle of data was taken 
from the electrical arc furnace of Erbil Mountain Steel Industrial Factory as a case of study. All data were 
measured and taken by the A-EBERLE model PQ-Box 200 device which is power quality analyser/high 
frequency recorder. Frequency deviation, transient overvoltage (10 ms), voltage changes, THD, long time 
flicker, voltage unbalance, voltage harmonic and ripple control are recorded and analysed. Figure 4(a) shows 
all the data of arc furnace recorded and measured according to EN50160/IEC61000-2-2 standard for one 
week and all power quality disturbances of the system are compensated by a classic passive filter. It about 
569 events occurred to the three lines of the system. Green line is the limit value according to the threshold of 
the selected standard EN5060 and IEC61000-2-2, red colour column shows the reading of 95% value, 100% 
value shows by blue colour column and the blue column is cross hatched red represent 100% value limit 
exceeded. The three-line harmonics for the sample period of the case is shown in Figure 4(b). It shows that 
harmonic orders 27, 33, 39, and 45 in line three are 100% exceeds the limit. 


l | | | | LTE e e e T 
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Figure 4. Erbil Mountain steel factory: (a) standard report plot and (b) three-line voltage harmonics 
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The maximum value of frequency is 50.89 Hz and minimum value is 49.11 Hz recorded where the 
maximum and minimum limit value is 50.50 Hz and 49.50 Hz respectively. A huge number of flickers 
occurred by all lines, first line 7.86, second line 7.95 and third line 7.89, much more than the limit value. The 
information technology industry council (ITIC) curve representation for all the voltage events shown in 
Figure 5, all deviations from the nominal voltage in duration and amplitude are displayed graphically, and all 


data didn’t exceed permissible limit. 
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Figure 5. ITIC curve of Erbil Mountain steel factory 


5. SIMULATION AND RESULT 


The study used Matlab R2018a Simulink simcap power system, the simulation of the proposed work 
is shown in Figure 6. The Simulink parameters shown in Table 2 were chosen to be the best values to obtain 
the optimum results. UPQC connect to the distribution line system and has taken balanced and unbalanced 
linear and nonlinear loads, also has taken three types of faults and two types of outage lines. 
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Figure 6. Schematic diagram of PSOANN based UPQC filter 


Table 2. Simulink parameters 


Parameter Value 
AC source voltage 400V 
Frequency 50Hz 


Source impedance Rs=0.01Q, Ls=5 mH 
RL Filter impedance Rs=0.0Q, Ls=5 mH 
RC Filter impedance Rs=5Q, Ls=20 uF 
DC-link capacitor 3000 uF 
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The control block diagram induce the deserve signal gate of inverter series part of UPQC device 
shown in Figure 7(a) and the shunt part of UPQC device shown in Figure 7(b), with the benefit of using the 
park transformation. The optimal values of 0.978 for K; and 16.836 for K, were obtained from the 
simulataion of PI controller by using PSO method, then the Simulink is run with ANN to get the best results 
to improve the power quality. The equivalent impedance of the shunt filter circuit is very small and this 
prevents the harmonic load current path from reaching the grid forming converter, therefore, the harmonic 
current instead of passing through the voltage source, it will go into the filter branch and it begins the process 
of compensation. For given a certain frequency an inductive reactance must be formed to electronically 
adjust the shunt filter of UPQC, since a capacitor bank composed the passive part of a shunt filter. The 
structure is able to perform various tuning frequencies at the same time, by generating different active 
reactances for specific desired harmonic. 


ee] 
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Figure 7. Proposed PSOANN of UPQC system simulation controller: (a) series side filter and 
(b) shunt side filter 


First, the Simulink run with balanced source applied to the balanced load, in which case the 
compensation is zero and doesn’t have any effect on the load currents. Three signals of load currents, 
compensation currents and source currents are shown in Figure 8(a). Then the Simulink run with an 
unbalanced load, and it compensated with proposed PSO-ANN to remain source currents in balanced as 
shown in Figure 8(b). 
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Next, the Simulink run with balanced nonlinear load, Figure 9(a) shows voltages compensation and 
Figure 9(b) shows currents compensation in a balanced nonlinear load. The fast fourier transform (FFT) 
analysis have been done for the current source signal and all harmonic orders have been calculated and most 
of odd harmonics are exceed the limit value according to EN5060 and IEC61000-2-2 standard as shown in 
the Figure 10(a). THD had become very low and harmonic orders of source current reduced in limit with 
standard values as shown in Figure 10(b), it seen that THD reduced from 28.54-0.81%. 
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Figure 9. System response for balanced nonlinear load: (a) voltages response and (b) currents response 
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Figure 10. FFT analysis of balanced nonlinear load current: (a) before optimization and (b) ffter optimization 
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Then, the Simulink run with unbalanced nonlinear load, Figure 11 shows currents compensation in 
unbalanced nonlinear load. The FFT analysis have been done for the current source signal and all harmonic 
orders have been calculated and most of odd harmonics exceed the limit value according to EN5060 and 
IEC61000-2-2 standard as shown in the Figure 12(a). THD had become very low and harmonic orders of 
source current reduced in limit with standard values as shown in Figure 12(b), it seen that THD reduced from 
16.03-1.03%. So, this type of optimization can be chosen as the best option for our study case. 

After that, the Simulink run with occurrences of 60% drop voltages from 0.04 to 0.08 second and 
140% over voltage from 0.12 to 0.16 second in the source side voltage. It seen from the Figure 13, that the 
load voltage full compensated by proposal compensator. Finally, the Simulink run with occurrence of three 
types of faults and outage lines, Figures 14(a) and (b) shows voltages response and currents response 
respectively at one-phase to earth fault occur to the system. Figures 15(a) and (b) shows voltages response 
and currents response respectively at two-phase to earth fault occur to the system, Figures 16(a) and (b) shows 
voltages response and currents response respectively at three-phase to earth fault occur to the system. 
Figures 17(a) and (b) shows voltages response and currents response respectively at open one-phase of 
nonlinear balanced load power system, and lastly Figures 18(a) and (b) shows voltages response and currents 
response respectively at open two-phase of nonlinear balanced load power system. It seen that, at occurrence 
of fault near source the load voltages and currents are full compensated, and at time of lines open near the 
load the source voltages and currents been full compensated by proposal compensator. 


<signal>:1 |- 
— <signal>:2 
<signal>:3 


0.12 


0.14 


Figure 11. System currents response for unbalanced nonlinear load 
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Figure 12. FFT analysis of unbalanced nonlinear load current: (a) before optimization and 


(b) after optimization 
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Figure 13. System voltages response for different sag and swell of voltage source 


For work evaluation, Table 3 presents the outcomes before and after compensation of THD, for 
different works. The tabular comparison shows balanced and unbalanced test and it is possible for other tests. 
It is seen that the proposed method is superior to the other methods in reducing the total harmonic current 
compensation THD. 
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Figure 15. System response for double-line to earth fault: (a) voltages response and (b) currents response 
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Figure 17. System response for one-phase outage of nonlinear balanced load: (a) voltages response and 
(b) currents response 
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Figure 18. System response for two-phase outage of nonlinear balanced load: (a) voltages response and 
(b) currents response 
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Table 3. Balanced and unbalanced non-linear load test, %THD comparison 


Methods Balance system Unbalence system Balance system Unbalence system 
Before improvement After improvement 
Proposed PSOANN 28.54 16.3 0.81 1.03 
SAPF [30] 30.88 12.7 1.18 1.13 
PPFO [22] 11.4427 11.0 1.91 2.06 
FO [22] 11.4427 11.0 1.93 2.18 
SRF [31] 29.19 - 0.90 - 
DPC [32] 27.48 - 0.91 - 
Conv. PI [33] 28.01 - 3.88 - 
GA [34] 31.66 - 4.56 - 
PSO [34] 31.66 - 4.55 - 
SCS [35] 20.75 - 1.27 - 


6. CONCLUSION 

The paper initially proposed to study the power quality by taking Erbil Mountain steel factory as a 
model and measuring all power quality disturbances for one week. The case measured and as it is seen, a 
high number of disturbances in frequency, current and voltage profiles were recorded. Then the paper 
proposed an optimization technique to improve the performance model of UPQC of the system for 
investigation in systems for low and medium line voltages, and it simulated with perform a hybrid active 
filter which consist of two filters shunt and series active filters connected to the distribution system to 
improve the waveform of source voltages and currents after deteriorated by nonlinear load system, and 
improving the power quality as a result. UPQC reacted very strongly to the system reduced current source 
THD from 28.54 to 0.81% at balanced nonlinear load and from 16.03 to 1.03% at unbalanced nonlinear load. 
The work is the practicability of the application of the obtained results for assessment of economic damages 
provoked by the asymmetry, non-sinusoidal, or voltage fluctuations which can be an adequate base for 
providing recommendations for enhancing the quality of supply in distribution system, commercial 
establishments, and industrial buildings. 
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